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TABLE XXIX

Works
	For
 year
	Per cent, moisture
	Cost per ton
			Cost per million gallon
		
			Land charges
	Sea charges
	Total
	Land charges
	Sea charges
	Total

London: Barking ..........
	1907 1907
 1907-8 1906-7
	92.04 91.65
 86.69
	$0.050 0.046
 0.016
 0.044
	$0.067 0.067
 0.049 0.117
	$0.117 0.113
 0.065 0.161
	$1.57 0.73
 0.34
	$2.10 1.13
 1,06
	$3,67 2.91
 1 . 40


								
Glasgow: Dalmuir
								
Manchester  .......
								

		
						
The first three sludges are from chemical precipitation and
the last from septic tank treatment.
Recently Providence has disposed of its sludge cake by dump-
ing it in Narragansett Bay from a scow 135 ft. longX3S ft. wide
Xll ft. deep. This is divided into 6 compartments and lias a
capacity of 850 cu. yds. when filled level, and 1050 cu. yds.
when heaped. This is towed about 10 miles down the bay and
deposited in a depth of about 65 ft. of water.
As already mentioned, the sludge removed from the deposit
sewer of the Boston Main Drainage is taken by a scow out into
Massachusetts Bay and dumped in deep water.
Disposal of sludge by dilution is also practised at Columbus,
Ohio, where it is stored until the river water is in freshet or of
sufficient volume to render its discharge unobjectionable. This
was also tried with the sludge from the experimental tanks at
Waterbury, Conn., where it was observed that when diluted by
1650 volumes of water in the Naugatuck River, there were no
apparent odors resulting and the mixture was non-putrescible,
8. Application to the Land
Direct application to the land is frequently employed at small
works. The ordinary cost of this is given by Mr. W. B. Ruggles
as from 40 to 50 cts. per ton of the solid content and the area
required is from 1 to 2 acres (2 or 3 in. deep) per 1000 tons of
sludge.1 Where trenching and burying is used, the cost is about
9 to 14 cts, per ton of wet sludge, or from 90 cts. to $1.40 per ton
1 Kinnicutt, Winslow and Pratt.